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NOTES 


1) RADIO EQUJPUENT ROOM; P80VCC 4" FLAT 8LACX V.NYL COVE BASE GLUED TO WALLS ALL AROONO. PATCH AM) REPAW EXSTlNC 
EPOXY PAINT ON aOOR AS NECESSARY BATTERY ROOM ANO UPS AREA; PATCH AM) REPA3? EXISTING EPOXY PAMT ON aOOR 
AS NECESSARY. 

2) provide a uat or (« reasn coats sew- closs enamel roR the entire room walls or rat*o equipment, batter* 

ROOM. CQUNG OT BATTER* ROOM ANO UPS AREA ALL NEW WAILS ANO CEVNC SKAU ALSO HAVE A LATEX PRIMER COAT. 

3) RADIO EQUIPMENT ROOM WALL SMALL 8£ T»0 5/8" TYPE X CYPSUM WALL80ARO ON 60TH SIDES OT 3 5/8" METAL STUDS 25 
CAGE AT 16* ON CENTER WITH 3 1/2" TKtCx R-11 FIBERGLASS INSULATION CONSTRUCTED FROM aOOR TO SL*8. 

4) BATTER* ROOU WALLS SHALL BE TWO 5/8' TYPE X CYPSUM WALL90ARQ ON BOTH SsOES Of 3 5/8" 'C STUDS UNPUNCHEO 18 
CAGE AT 16* ON CENTER WCTM 3 1/2* R-n F1SERCLASS INSULATX*. BATTERY ROOM CEHJNC TO BE CONSTRUCTED OF 6* X 
2'. V JOTST. 18 CACE CEUNC JOISTS AT 1«" O.C. WTH 3/4* FtRE-RETAROAVT PLYWOOO WITH (2) LAYERS 5/8* TYPE X 
CYPSUM BOARD ON BOTH SOES Of JOfiJTS AND 6 1/4" R-19 HSEROASS INSULATION. 

5} PROWOE METAL fRAME FOR OOUBLE DOORS. 1 1/2 HOUR UL RATED. M32MUM 16 CaCE STEEL FRAME ANO DOOR MtfSMlW 16 
CAGE. I 3/4" HOUOW METAL DOORS. 1 1/2 HOUR UL RATED IN LOCATIONS SHO*"H ON PLAN. DOOR LOCKSET TO BE 
COftBW-RUSSWTN ' ML2257T.WA626 LOCK WITHOUT CYLINDER. CYUNDERS PftC"OED ASO INSTALLED BY OTHERS. 
BUTTS: STANLEY WORKS FB8179. 

6} PRCATOE r HIGH WSR£ PARTTOONS ANO 3' WOE OOOR WITH TWO PADLOCK "STAPLES" AT 21* ANO 63* AfT. PADLOCKS BY OTHERS. 
ACORN W*R£ ANO WON WORKS TYPE NO. 130A OR APPROVED EQUAL. LOCK TO BE KEYED SAME AS DOORS (NOTE 5 ABOVE). 

7) fT B A VIOLATION OF LAW FOR ANY PERSON. UNLESS HE IS ACTING UNDER 1m£ DIRECTION OF A UCENSEO PROFESSIONAL 

ENGINEER. TO ALTER AN ITEM ON THIS DOCUMENT ■* *N¥ WAY, IF AN rTEM BCARtNC THE SEAL OF AN BiCNEER IS ALTERED, THE 
ALTERING ENGINEER SHALL AFFIX HS SEAL ASO THE NOTATION "ALTERED BY* FOUO*EO BY KtS ^NATURE ANO THE DATE OF 
SUCH ALTERATION. ASO A SPECIFIC 0C.SCR3TION CF THE ALTERATION. 
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RAOSO EQUIPMENT ROOM 


TWO LAYERS Of 5/8" CYPSUM 
BOARD TYPE X ON BOTH SC£S 
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SEE NOTE 4. 
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